COST OP CORRUGATKU
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The net cost of corrugated galvanized steel is found by adding .050. per pound to the net cost of flat galvanized sheets.
The standard card of extras used in 1903 is given below.   These extras are to he added to the net price of flat black or galvanized sheets to obtain the cost.   These extras are not subject to discount. CARD OK ICXTUAS FOR HI.ACK OR GALVANIZICO sinews.
For corrugating   ...........................050. per 11).
For painting with red oxide.................loc.   "   "
For painting with Dixon's graphite...........aoc.    "   "
For painting with Goheen's carbonizing coating . 3oc.    "   " For all trimmings, etc., flashings, ridge caps,
and louvres ...........................i. ooc.   "  "
For flat sheets rolled from reworked muck bar .500.    "   "
For sheets rolled from iron scrap mixture.....25C,   "   "
For arches   ................................25c.    "   "
Illack corrugated steel in 1903 is quoted about as follows, f. o. b, Piltsburg:
No. 16 to 18 inclusive..............2. ac. per Ib.
No. 20 to 22 inclusive..............2.6c.    "   "
No. 24 to 26 inclusive..............2.70.    "  "s should be ordered to cover three purlins or girts if possible. Bevel sheets should be ordered by number, and sheets should be split and reentrant cuts should be made in the field. All sheets should be plainly marked with the number or length. Sheets No. 22 or lighter can be bent in the field, heavier metal should always be bent at the mill. In preliminary estimates of corrugated steel allow 25 per cent for laps where two corrugations side lap and 6 inches end lap are required, and 15 per cent for laps where one corrugation side lap and 4 inches end lap are required.
